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The Mint of the United States at Philadelphia, Penn., 
Superintendent’s Office, 
June 9, 1886 


Hon. Daniel M. Fox 
Superintendent 


Dear Sir 


In answer to yours of the 7th inst. I would most respectfully make following statement of 
repairs necessary in my Department. The Engines want overhauling and should be painted. 
Could not estimate the cost of this until work is stopped Bonnets removed from steam chests, 
and Cylinders heads taken off. 


The Boilers & mud drums want cleaning out & painting inside. Experience has taught me 
that this work cannot be properly done unless by practical Boilers cleaners. Would estimate cost 
at $125.00. The furnaces and flues & bottom of stack Mint repairing with fire brick Estimate, 
cost at $175.00. 


Six cast Iron Bridge plates are needed in furnaces three of these we have in stock & the 
three which will be needed will cost about $36.00. 


Castings & fire brick should be ordered early so as to have them when needed. All valves 
around Boilers want overhauling & grinding in. All joints except Copper joints about Boilers, 
want renewing. Feed water heater & Boiler feed pump want overhauling. The work can be done 
by Mint Machinists. Tanks & wells want cleaning out. 


Respectfully, 
John Bonner 
Chief Engineer 


